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Le have I wa} in Hos | 


that a much more able Hand 
would have undertook to abridge 
the moſt uſeful Parts of the Building 


Act, and compoſe a general Index 


to the Act itſelf; but, not finding 
any Perſon willing to undertake a 
Work of this Kind, 1 beg Leave to 


offer my Service to the impartial 
Public. 


It may be ſaid, the Act is eaſy to 
be underſtood ; but, to give a ſhort 


and comprehenſive View of the ma- 


terial Parts referringdirectly to Build- 
ings, will render the Knowledge of 
it more ealy: while, by the general 
Index, 


_—_ 
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PREFACE, 


Index, an Enquiry into the pa I 8 
lar Parts of the AQ may be made 3 
with leſs Trouble. | 


If the following Sheets ſhould 
prove uſeful to thoſe who conſult 
them, the End of the Compiler will 
be anſwered, who ſubſcribeshimſelf, 
Their humble Servant, : _ [ 
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1225 ute, that « every y Building ahi or 
thereafter fo he built, on New gr Old Equations, 
or on Foundations garth, New and gartiy Old, ſhall 
be diſtinguiſhed by, and divided into the ſeven ſeveral 


Rates, or Claſſes of Building herein after geſcribed. 


FIRST. RATE BUILDING: 


Sg 4 03'S and . 2-4 As, 


28 HAT every. Church, Chapel, M 1 eting- -Hauſe, | 
and other Place of Public FN Sexy 
1 — "Houſe or Building for diſtilling ; and. eki 
1 4 Liquors for Sale, for making of Soap, for me elting of 
1 allow, for dying, for boiling or diſti] ligg: entire, 
for caſting Braſs or Iron, for refining of ugar, for mak- 
ing of Glaſs, for, chymical Works for Sale, of what 

N Dimenſions ſoever the ſame reſpectively are or, ay. be. 


And alſo every Warehouſe and other: Building white 
ſoever, not being a Dwelling-houſe, now. built or here- 

/* after to be built (except the 5th, 6th, or 5th Rate or 
- {Claſs ef Building) which does or ſhall exceed three 
clear Stories above Ground, excluſipe of the Rooms 
} (if any) in the, Roof thereof, or which is or, hall be of 
the Height of thirty - one Feet from the Surface of the 


2 | / Pavement; Ground, or Way above the Area beforeeither 
«of the roots thereof, :tothe;T:ap of the Blocking Fqurie 
14 e the ate. 


„ And 


F 4 Fixſt Rate. Party Walls 


And every Dwelling-Houſe now built, or hereafter 
to be built, which with the Offices thereto belonging 
and adjoining, or connected otherwiſe than by a Fence 
or Fence-wal}; or covered Paſlage, open on one or both 
Sides, when finiſhed, does or ſhall exceed the Value 

of Eight Hundred and Fifty Pounds; and alſo every Dwell- 
ing-Houſe which does or ſhall exceed nine Squares of 
Building on the Ground Floor, including internal and 
external Walls, ſhall be deemed the Firſt Rate or Claſs 
of Building, and muſt be built as n. viz 


rr TALLY 
FoorinGs, 


That every Party- wall hereafter to be built to any 
Firſt Rate Building, or to any addition therets, or en- 
largement thereof, ſhall be built and remain à the 
Foundation 33 Bricks, or 2 feet 6 inches in Thick-- 
neſs, and to riſe 1 foot high, regularly and gradually 


_ diminiſhing on each fide of the Wall, 4 z inches to N 
| Top of the Footing. 


* From Top of Footing 
25 Bricks, or 1 foot 9g inches; 25 to the under ſide of | 
| the Ground Floor. | 
From Under Side of Ground Floor, 


2 Bricks, or 1 foot 5 inches 2, to the under Side of 
the Floor of the Rooms (if any) in the Roof of the 
1 Building adjoining to ſuch Party Wall. 


From Under Side of F loor in the Roof. 


1 } Brick or 13 inches, to the full Height of 18 hoes 
in every Part above the ſquare of the Rafter of the high- 


el 


— 2 # 


Firft Rate. External Walls. 3 


eſt Building 9 thereto, and 1 foot above the 
Gutter. 


N. B. All Footings * be at leaſt. 2 inches be- 
low the upper Surface of the loweſt Floor adjoining 
thereto ; and all party Walls ſhall extend to the outer 
Surfaces of the external Incloſures of each of the ad- 
joining Houſes or Buildings. 


FEATERNAL WALLS 
Foorinss. 


That every Front, Side, End, or other External 
Wall (not being a Party Wall) hereafter to be built 
to any Firſt Rate Building, or to any addition thereto, 
or enlargement thereof, ſhall be built and remain at 
the Foundation 23 Bricks, or-1 feet 9 inches in thick- 
neſs, and to riſe ꝙ inches high, diminiſhing as before, 
2 3 inches on each ſide, to the * of the F en - 


4 


From Top of F voting, 


2 Bricks, or x foot 5 inches z, to the under ſide of 
the One Pair of Stairs Floor, 


From Under Side of One Pair of Stairs Floor, I 


1 Brick, or 13 inches, to the under ſide of che plats | 
under the Roof or Gutter, _ 


— 


F rom Under Side of Plate under Rad” 


2 Brick, ar 82 inches, to the under ſide of the 
Plocking courſe or Coping on the Parapet. | 


Except ſuch Parts of ſuch Wall as ſhall be wholly 
of Stone, which Parts, ſo being of Stone, ſhall be of 


B 2 1 


4 Second Rate. Party Walls, . 


the. Thickneſs of 14 inches at the leaſt, below) tHe 
Ground Floor, and of 9 inches at the leaſt above the 
Ground Flogr. And except all Recefſes above the 
Groutit Floor in the faid Wall, Which ſhall be arched 
over im every Story, fo nevertheleſs as that the Arck 
afid the back of fuch Recefs fllall be refpectiyely of the 
Thicknefs of x Brick, Gr 8 inches, at the leaft, 


SECOND RATE BUILDING, + 


65 


That every Building, not being a Dwelling-Houſe, 
except the iſt, 5th, 6th, and 7th Rate, or Claſs of 
Building, now built or hereafter to be built, which does 
or ſhall exceed 2 clear Stories, & ſhall not contain more 
than three clear Stories above Ground, excluſive of the. 
Rooms (if any) in the Roof thereof, or which is or ſhall 
be of the Height of 22 Feet, and not 31 Feet, from 
the Surface of the Way above the Area befote either 
of the Fronts thereof, to the Top of the Blocking 

courſe or Coping on the Parapet thereof. 


And every Dwelling-Houſe now built, or hereafter 
ts be butt, which, with the Offs thettto belonging 
and adjoining, or connected, ötherwiſe thati by a Ferice 
or Fence-wall, or covered Paſſage, open on one or both 
Sides, when finiſhed, does or ſhall exceed the Value of 
Tri Hundred anti Fifty Ponmdi, ati ſtiall fiot ambunt to 
more than Eight Hundred and Fifty Pound, and alto every 
Dwelling-Houſe which does or ſhall exceed 5 Squares 
of Building on the Ground Plan, and ſhall not amount 
to mbre than þ Squares of Building on tht Ground 
Plan thereof; including internal and external Wald; 

all be deemed the ſecond Rate or Claſs of Building, 
and faſt be bunt as fellolrs vs. 


% 
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PARTY 


Second Rate. Party and External Walls. 5 


R T -- LL: 4.24 
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That every Party- wall hereafter to be built to any 
ſecond Rate building, or to any addition thereto, or en- 
largement thereof of, ſhall be built and remain at the 
Foundation 33 Bricks, or 5 feet 6 inches in Thickneſs, 
and to riſe 9 inches high at leaſt, regularly and gradually 
diminiſhing on each fide of the Wall, 4 inches to the 
Top of the Footing. 


From Top of Foating. 


2 ; Bricks, or 1 foot Jr inches, to the under Side of 
the Gmund Floor. 


From Under Side of Ground Floor. 


2 Bticks, of x foot 55 inches, to the under Side * 
= T Pair of Staits Story. 


From Under Side of Two Pair of a | 


I ; Brick, or 13 inches, to the full Height of 18 in- | 
ches aboyt the Square of the Rafter of the higheſt Build- 
ing adjoining thereto, and 1 foot above the Gutter, 


N. B. All F ootings muſt be at leaſt 2 inches bole 
the upper Surface of the lowsl Floor Wig * 


EXTERNAL WALLS, 


F 0,0TING 5. 


Tha * F roat, Side, or other External wall * hey 
ing a Party wall) hereafter to be built to any { ſecond. Rate 


Building: or to any addition thereto, or enlargement 


6 Think Rake. Extend? Walls, 


thereof, ſhall be built and remain at the Four dation 2 

Bricks, or 1 foot 5 inches in thickneſs, and to riſe 

9 inches high, diminiſhing as before 2 ; ; inches on each 
Side, to the Top of the Footing. 


£14 From Top of Footing, 
1 3 Brick, or 13 inches, to the under Side of the One 


- Pair of Stairs Floor. 


F rom Under Side of One Pair of Stairs Floor. 


1 Brick, or 83 inches, to the under Side of the Block- 
ing-yourk or Coping on the Parapet, 


Except ſuch Parts of every ſuch Wall being above 
the Ground Floor, as ſhall be wholly of Stone, which 
Parts, ſo being of Stone, ſhall be of the Thickneſs of 
9 inches at the leaſt, And except all Receſſes above 
the Ground Floor in the ſaid Walls, which ſhall be 
arched over, ſo nevertheleſs as that the Arch and the 
Back of each ſuch Receſs, ſhall reſpectively be of the 
Thickneſs of 1 Brick in Length, or 8; inches at the leaſt, 


THIRD RATE BUILDING. 


3, 2 S A 2 5 

That every Building, not being a Dwelling-Houſe, 
except iſt, 5th, 6th, and 7th Rates of Building, now 
built, or hereafter to be built, which does or ſhall ex- 
ceed one clear Story, and ſhall not zontain more than 
two clear Stories above Ground, excluſive of the Rooms 
(if any) in the Roof thereof, or which is or ſhall be of 
the Height of more than 19-feet, and ſhall not be of 
the Height of 22 feet from the Surface of the way above 
the Area, before either of the Fronts thereof, to the Top 
of che Blocking oourſe or Coping on the Parete thereof. 


"And 


4 ] 


* 
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Nird Rate, Party and External Walls. y 


And nn Dwelling-Houſe now built, or hereafter 
to be built, which, with the Offices thereto belonging 
and adjoining or connected, otherwiſe than by a Fence 
or Fence-wall, or covered Paſſage, open on one or both 
Sides, when finiſhed, does or ſhall exceed the Value 
of One Hundred and Fifty Pounds, and ſhall not amount 
to more than the Value of Three Hundred Pounds, 


And every Dwelling-Houſe, which does or ſhall ex- 
ceed 32 Squares of Building on the Ground Plan, and 
ſhall not amount to more than 5 Squares of Building 
on the Ground Plan thereof, including internal and ex- 
ternal Walls, ſhall be deemed the Third Rate or Claſs 
of Building, and muſt be built as follows, via. 


PARTY WALES 
F'o:0 T8: 4 7 


That every Party-Wall hereafter to be built, to any 
Third Rate Building, or to any addition thereto, or 
enlargement thereof, ſhall be built and remain at the 
Foundation 3 8 or 2 feet 2 inches in Thickneſs, 
and to riſe 9 inches high, regularly and gradually di- 
miniſhing on each ſide of the 3 4 2 inches to the 
Top of the F ooting. | 


From Top of F ooting, 


2 Bricks, or 1 foot 52 inches, to the under fide. 'of 
the Ground F lor. N 


From Under "TY of Ground F EY 


1 13 Brick, or 13 inches, to the full Height of 18 inches 
above the It of the Rafter of the higheſt Build- 
ing adjoining thereto, and 1 foot above the Outter. 


N, B, 
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8 2 Founth Rate. Eternal Kal, : 


N. B. All Byotings muſtibe at leaſt r 
N rents berface of nen r Kong —_— 


A x CTERNAL WALLS. 


e N 0 


That every Front, Side, End, or other Eoternidllapall 
ene a Party-wall) hereafter to be built to any 
Third Rate Building, or to any addition thereto, or en- 
largement thereof, mall be built and remain at the 
Foundation 2 Bricks, or 1 Foot 53 inches in Thiekneſs 
and to riſe 6 inches high diminiſhing as before, 2 f inches 
on each h fide, to the Top of the F — 


% * 


From Top of F ooting. 


I; Brick, or 13 inches, to the under ſide of the 
Ground-F loor. ; | 


F rom. Under Side of Canal F — 


| 1 rt or 3 z inches to the under fide of the Block- 
ing: courſe or Coping on the Parapet, =, 


F OURTH RATE BUILDING. 


nn AM 3 A a te . 
That every. Building, not being a Doelling-Hquſe, 
except iſt, 5th, 6th and 7th Rates of Buildigg, naw 
built, or hereafter to be built, which does not or ſhall 


not exceed one olaar Stogy above Ground, excluſive of 


the Rooms (if any) in the Roof thereof, or which is 


nat, or. Mall: not be of the Height of more than 13 fset 


from. the ;ſurface of Ane Way above the Atea, before 
either 


- 


Fourth Rate. Party & External Walls, g 


ether of the Fronts thereof, to pe Top of the Block- 
ing· courſe or Coping on the Parapet thereof. 


And every Dwelling- Houſe now built, or hereafter to 
be built, which, with the Offices thereto belonging and 
adjoining or connected, otherwiſe than by a Fence or 
Fence-wall, or covered Paſſage, open on one or both 
Sides, when finiſhed; does not or ſhall not exceed the 
Value of Ons Hundred and Fifty Pounds. And alſo every... 
Dwelling-Houſe, which does not or ſhall not exceed 32 
Squares of Building on the Ground Plan thereof, in- 
cluding internal and external Walls, ſhall be deemed 
the Fourth Rate or Claſs of Building, ang muſt be built 
as follows, viz. 


r A1 Tr 
ori , 


That every Party wall: hereafter to be built to any 
Fourth Rate Building, or to any addition thereto, or 
enlargement thereof, ſhall be built and remain at the 
Foundation 2 Bricks, or 1 foot 5 inches in Thickneſs 
and to riſe 9 inches high, regularly and gradually di- 
miniſhing on each Side of the Wall, 2 3 inches to the 
Tops of the Footing. 


From Top of Footing, 
13 Brick, or 13 inches, to the under Side of the 
Ground Floor, | 
From Under Side of Ground: Flows | 


1 Brick, or 83 inches, to the full Height of 18 inches 
above the Square of the Rafter of the higheſt Building 
adjoining thereto, and 1 foot above the Gutter. 


10 Forth Rate. External Walls. 


N. B. All Footings muſt be at leaſt 2 inches . 
the upper ſurface of the loweſt Floor einigt thereto. 


rn 


Foo r IN Gs, 


That every new Front, Side, End, or other externa 
wall (not being a Party- wall) hereafter to be built to 
any Fourth Rate Building, or to any addition thereto, 
or enlargement thereof, ſhall be built and remain at the 
Foundation 2 Bricks, or 1 foot 53 inches in Thickneſs, 
and to riſe 6 inches high, diminiſhing as before, 23. 
inches on each Side, to the Top of the Footing. 


From Top of F ooting, 


I; Brick, or 13 inches, to the under Side of the | 
Ground Floor, | 


F rom Under Side of Cramd Floor. 


1 Brick, or 8 inches to the under ſide of the Block- 
ing-couk or Coping. on the Parapet. | 


It is further enacted, that every Houle, 4 or Building 
of the Four Firſt Rates of Building hereafter to be built 
not having each of them a feparate and diſtin& fide Wall 
on the Part or Parts where they are, or ſhall be con- 
tiguous, ſhall have Party-walls between Houſe and 
Houſe, or other Building, or between ſo much of ſuch 
Houſe and Houſe, or other Building, as ſhall not re- 
ſpectively have ſuch ſeparate and diftin& Walls as afore- 
ſaid, and ſuch Party-walls ſhall extend to the outer ſur- 


| faces of the external encloſures of each of the adjoining 
Houſes or n. 


FIFTH: 


Fifth Rate Building. 11 
* IFTH RATE BUILDING. | 


That every Building, except the iſt or 7th Rate or 
Claſs of Building, which is or ſhall be at the diſtance 
of 4 feet, and not 8 feet, from any public Road, Street, 
or Cauſeway, and is or ſhall be detached ow any o- 
ther Building, not in the ſame Poſſeſſion therewith, 16 
feet at the leaſt, and not 30 feet, or connected with 
any other Building, only by a Fence or Fence-wall, 
ſhall be deemed to be of the Fifth Rate or Claſs of 
Building, and ſhall and may be built of any dimenſions 
. 


ut it is enacted, that every external Wall, or ex- 
ternal encloſure of every Building of the Five Firſt 
Rates of Building, which ſhall hereafter be erected or 
built; and every addition or enlargement thereafter ta 
be made to any Building of the Five Firſt Rates now: 
erected, or hereafter to be erected, ſhall be of Brick, 
Stone, artificial Stone, Lead, Copper, Tin, Slate, Tile, 
or Iron, or of Brick, Stone, and ſuch artificial Stone, 
Lead, Copper, Tin, Slate, Tile, and Iron together, 
except the neceflary Piling, Bridging, and Planking for 
the Foundation of the ſame, and alſo except the ne- 
ceſſary Templets, Chains, and Bond- timbers, and alſo 
except the Doors, Saſhes, Window-ſhutters, Door 
and Window Frames to ſuch Buildings, and the Tiers 


_ or Stories of Door Caſes and Doors to all ſuch Ware- 


houſes as are or ſhall be of the Four Firſt Rates of 
Building; all which Window-frames and Door-frames 
to the Five Firſt Rates of Building, hereafter to be 
built, pr to any addition, or enlargement thereto, ſhall 
be ſet in Reveals, and receſſed at leaſt 4 inches from 


. the Front of the — in which they ſhall be fixed. 


C + SIXTH 


* 


1 $ruuh and Seventh Rate Building, 
SIXTH RATE BUILDING. 


T hat every Pending, except ſuch Buildings as are 
hereby particularly declared to be of the iſt Ra te or 
Claſs of Building, which is or ſhall be at the diſtance 
of 8 feet from any public Road, Street, or Cauſeway, 
and is or ſhall be detached from any other Building, not 


in the ſame Poſſeſſion therewith, at leaſt 30 feet, or con- 


nected with any other Building only by a Fence or 
Fence- wall, ſhall be deemed to be of the Sixth Rate or 
Claſs of Building, and ſhall and may be built of any 
Dimenſions, and with any Materials whatever, 


N. B. Notwithſtanding it is ſaid this and the 7th 


Rate may be built of any Materials, yet the Act expreſ- 


ly ſays, that all Chimnies and Flues ſhall be built with 
Brick or Stone, or Brick and Stone together, and ſhall 
be rendered or pargetted within and without up to the 
Top of the Covering, 


It is enacted, That if any Building of the Fifth, or 
Sixth Rate or Claſs of Building, be hereafter divided 
Into two, or more diſtint Tenures, and the ſeveral 
parts of ſuch Building, i in ſuch ſeparate Tenures, be not 
at the ſeveral] diſtances from each other, herein before 
particularly directed for every ſuch Fifth or Sixth Rate 
Building, t then every ſuch ſeyeral parts of ſuch Build. 
Ing, in eyery ſuch ſeparate and Liftin& Tenures, being 
nearer to each other than the ſaid ſeveral diſtances, ſhall 


F 


1 RATE a. 


'That every Crane-Houſe now built, or hereafter ta. 
be built, on any Wharf or Da. and every Shamble, 
Wind-mill, 


| Seventh Rate Building. 23 E: 


Wind-mill, or Water-mill, and alto every Building 
which is or ſhall be ſituated without the Cities of Lon- 
don and Weſtminſter and the Liberties thereof, uſed for 
Wokk-sHors or DRYING-PLACEs for Tanners, Fell- 
mongers, Glue-makers, Size-makers, Callico-printers, 
Whitſters, Whiting-makers, Curriers, Leather-dreſſers, 
Buckram-ftiffners, Oi] -cloth-painters, Wool-ſtaplers, 
Throwſters, Parchment-makers, and Paper-makers, ſo 
long and at ſuch Times as they are or ſhall be uſed for 
ſome or one of thoſe Purpoſes, and no longer, ſhall be 
deemed the Seventh Rate or Claſs of Building, and may 
be built of any dimenſions and with any Materials what- 
ever ; but no external Part of any Seventh Rate Build- 
ing ſhall, after the 24th of June 1774, be covered with 


Pitch, Tar, or apy other men, Compoſition or 
Material whatever. , . 


And every Chat and every addition or en- 
largement, and every new Side, new End, or other 
new external Encloſure, to be made to any Crane- 


| houſe, ſhall be of Stone, Brick, "ws Tile, Oak, Elm, 
Steel, Iron, or Braſs, EE 


N. B. Notwithſtanding it is ſaid thies the Sixth and 
Seventh Rates of Building may be built of any Dimen- 
fions and Materials whatever, yet the Act expreſley ſays 
in Folio 1727, & 28, that all Chimnies & Flues ſhall be 
built with Brick, or Stone, or Brick and Stone together 
and that every breaſt and back of every Chimney, and 

every breaſt, back and With, or partition of any flue here- 
after to be built, ſhall be rendered or pargetted within 
and without, except the outſide thereof, which ſhall be 
next to vacant Ground, in which caſe, the back of 
every Chimney and Flue next ſuch vacant . Ground, 
| ſhall be by Lime, or in ſome durable manner marked, 


and diſtinguiſhed, except in a Fore-front, Back-front, 
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| Nai. 


14 Seventh Rate Building. 


or Side-front of any Building not likely hereafter to be 


built againſt; and every back of every ſuch Chimney | 


and Flue ſo being againſt ſuch vacant Ground, ' ſhall 


be rendered or pargetted as ſoon as any Building ſhall 
be erected to ſuch Wall. | 


N. B. Builders, &c, ſhould obſerve that if they 


build a 5th, th, or 7th Rate Building with a Wall on 


one or both ſides, with an intention that the ſaid Wall 


or Walls ſhould hereafter become a Party- wall or Par- 


ty-walls, they ſhould build the ſaid Wall or Walls of 
the Thickneſs agreable to the Rate their Building will 


be of when another Building is built againſt it; As the 
Act of Parliament ſays that no External-wall mall be- 


come a Party-wall, except the ſaid Wall ſhall be of a 
proper Thickneſs; and that Party- walls hereafter to 
be built and every addition which ſhall be made there- 
to, or to any Party-wall which is already built or be- 
gun, ſhall be built agreable to the directions herein con- 


tained concerning the Party-walls of the higheſt Rate 


or Claſs of Building to which ſuch Party-wall ſhall 
adjoin, when ſuch additions are compleated. 


And it 1s further enafted, that every Building here- 
after to be built of the Four Firſt Rates, not havin 
each of them a ſeparate and diſtinct Side-wall on the 


Part or Parts where they are or ſhall be contiguous, 


ſhall have Party-walls between Houſe and Houſe or 


other Building, or between ſo much of ſuch Houſe and 


Houſe or other Building, as ſhall not reſpectively have 


ſuch ſeparate and diſtinct Side-walls as aforeſaid, and 
ſuch Party-wall ſhall extend to the outer ſurfaces of the 


external incloſures of each of the adjoining Houſes, or 


Aud. 


* 


Seventh Rate Building. 8 


And it is alſo 3 further enacted, That before 
any Building, or Wall, on new or old Foundations, 
or on Foundations 8 new and partly old (within 
the Limits of the Building Act) ſhall be begun; The 
Maſter Workman, or other Perſon cauſing ſuch buildin 
or Wall to be built, ſhall give ewenty- four Hours Notice 
thereof in Writing, to the Surveyor in whoſe diſtrict 
the ſame ſhall be tituate, which Surveyor ſhall view the 
ſaid Building or Wall, and ſee that the rules and regula- 
tions in the ſaid Act are well and truly obſerved; And 

ſuch Surveyor for his trouble therein ſhall be oak by 

| ſuch Maſter Workman, or other. Perſon cauſing ſuch 
Building, or Wall to be built, ſuch ſum of Money, as a 
ſatisfaction for his trouble therein, as any two, or more 
of his Majeſty's Juſtices of the Peace for the City, Coun- 
ty, or Liberty in which ſuch Building or Wall is ſitu- 


ate, ſhall, by any Writing under their Hands, order or 
n, not exceeding. | | | 


Fo or every Firſt Rate Building — 5 10 
And for every alteration or addition to 
be made — — — — — — 1 15 © 
For every ſecond Rate — — — 3 3 © 
And for every alteration or addition to : 
be made — — — — — — 1 10 0 


For every Third Rate — — 2 


"And for every akeration or edition to 
be made — — — — 


10 7@ 5 


For every Fourth Rate —  — 2 
And for every alteration or addition to 


be made — — — — — 1 TI 0 


For 


Party Walls, 


. 
For every Fifth Rate — — 1 10 0 


And for every alteration or addition ns | 
be made — — — — — o 15 o 


For every Sixth Rate — .— 1 1 0 


And for every alteration or addition to 


be made — — — — — O 10 6 


For every Seventh Rate — — o 10 6 


And for every alteration or addition to . 
be made — — — — — o 5 0 


4 


PARTY WALLS, 


All Party-walls muſt be of good ſound Bricks or 
Stone, or of good ſound Bricks and Stone together, be- 
tween Houſe and Houſe, or other Building of the four 
Arſt Rates of Building hereafter to be built, except each 
Building ſhall have a ſeparate and diſtinct Side Wall; 
which Party Wall ſhall extend to the outer Surfaces of 
the external encloſures of each of the adjoining Build- 3 
ings. 


„ may be built half on each perſon- 8 Ground, 


Party Walls to Dwelling-Houſes above "TW Stories 


high from the Foundations to the Roof, muſt be built 
as the Firſt Rate, 


Party Walls to a Fourth Rate Dwelling-Houſe, if 
above three Stories high from the Foundation to * 
Roof, muſt be built as a Third Rate. 6 


party Walls of all Buildings, or Additions to be built 


muſt — carried full 18 inches in every Part above the 
Roof 


Party Walls. i” 


7 Roof of the higheſt Building adjoining thereto, meaſurs 
img at Right Angles with the back of the Rafter, and 
1 Foot above the Gutter. | 


Party Walls, not being of ſufficient Thickneſs, or 
being ruinous, may be taken down after giving proper 
Notice. 


Party Timber Partition; or Timber Partitions, to be 
taken down when one Houſe or one Front is rebuilt, or 
two third Parts of one of ſuch Fronts is taken down ta 
the Breſſummer, or one pair of Stairs Floor and rebuilt, 
or when condemned n. to the ſaid Act. 


Ir the fore and back Fronts of any Building now 
built, ſhall hereafter be rebuilt as low as the Breſſum- 
mer, or one pair of Stairs Floor, within 5 Years of each 
other, then the Party Walls ſhall be ſubject to the Re- 
gulations of the ſaid Act. a 


In Caſes of pulling down old Buildings and building 

new Party Walls, the firſt Builder ſhall be reimburſed 
in Proportion to the Rate of the Building adjoining 
thereto, by the Owner or Owners who ſhall be intitled 
to the improved Rent, and may build at leaft- 7 inches 


on the adjoining Ground. 


Firſt Builder not to loſe any Right of Soil, on Ac- 
Count of the Wall not being Half on each Ground. 


1 of either Side, at their own Expence, may 
take down a Party Fence-wall, or Wood Fence, and 
build a new Wall, making good all the damages that 
may accure to the adjoining Premiſes by ſuch rebuilding, 
provided he does not extend more than 7 Inches from 
the center of the Wall * adjoining Ground, and 

his 
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not in Party 


| Walls. 


; 
1 
1 
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Flues, to be of 


— — IE — 


18 Party Walls aud Chimnies, 
his Neighbour may freely 8 Uſe of it as a Fences 


wall, but not otherwiſe, except he pay his proportion-. 
able Part of the Expence of erecting the ſame, 


C EM NIES. 


| ei 5 
1 Cellar Story - - 1 6 2 inches 
in Party Wall. Y all other Stories 1 above the 

| Mantle. 


Chimney-backs to 12 inches 
1ſt Rat 0 Ila Sto | 


all others - -- 1 
T WE Mantle. 


Walls. 


Chimnies, Back ( rt Rate Cellar Story 2 Jto 12 inches 
to Back in Party < 2d, 3d and 4th ditto 13 >above the 


all others - - - - x Mantle, 


Chimney-backs - 


f . Celar — hes 
raw —_—_ others wy 4 - - , > above the 
* : Mantle, 
Chimney-breaſts Cellar Story « 1 
to all Chimnies, ) all e IE 
Withs, or Par- 
titions between 


in every Story 


Brick or Stone, and to the Top „ a Brick thick. 


if of Br ick, 


N. B. Every Breaſt and Pack of every 8 an 
every Breaſt, and Back, and With, or Partition, of any 
7 tye hereafter to be built in Wall, ſhall de rendered 


or 


es 


88 


Chinintes and Ovens, 19 


or pargetted within and withqut, except next vacant 


| 3 which Parts, againſt ſuch vacant Ground, 
ſhall be, by Lime, or in ſome durable Manner, marked 


and diſtinguiſhed, (except a Fore- front, Back front, 
and Side- front, not likely to be built againſt) and muſt 
be rendered as ſoon as any building is built againſt the 
ſame. Therefore no Wood-work whatever muſt be af- 
fixed againſt any Part of the ſaid Chimnies and F lues, 
until the aboye is complied with, on penalty of Fifty 


Shillings on the beans offending * the ſaiq 


Act. 


No Chimney 4 to be ereQed on any Timber work 
whatever, except on ſuch Piling, Bridging, or Plank- 


ing, as may be neceſſary below the Foundation of the 


Building in which ſuch Chimney is erected; but all 
Chimnies (except as before excepted) ſhall be built on 


ſolid Ground, or on Brick or Stone Foundations, or ſhall 


be ſet on Brick or Stone Corbels, or Iron Brackets, or 
upon Iron Shores, which Iron Shores ſhall be en 
by Brick or Stone F qundations, 


Chimney-breaſts not to be 188 by a Wood 
Turning-piece, but by a Brick or Stone Arch, or ag 


| Iron Bar, 


No Timber to be laid in any Wall 3 the Hearth 


of any Chimney, nearer than 18 inches to the Surface 
of ſuch Hearth. | 


All Chimnies to have Brick Trimmers before them, | 
at leaſt 18 inches broad from the Qpening of ſuch 
Chimney, with Slabs, or Foot-paces, on them, of Tile 
Stone, Marble, or Iron, at leaſt 18 inches broad, and 
x Foot longer than the Opening of 2 Chimney when 
0 | | 
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20 Timbers in Farty- Walls. 


No Timber to be laid in the Brick-work of any 
Chimney, nearer than 9 inches to the Opening of ſuch 
Chimney, or nearer than 5 inches tp the infide of any 


. Flue, 


No Wood -work whatever ſhall be red to the Front 
of any Jamb or Mantle, or to the Front or Back of any 
Chimney or Flue, but by Iron-work; which Iron-work 
ſhall not lie or be drove more than 3 inches into the 
Wall againſt ſuch Chimney or Flue, or nearer than 4 
inches to the inſide of the Opening of any Chimney. | 


No Timber or Wood-work whatever to be laid in 
the Brick-work of any Oven, Stove, Copper, Still, Boil- 


er, or Furnace, nor within 2 feet of the inſide of ditto, 


or within 9 inches of the inſide of the F lue of ditto, 
where ſuch Timber ſhall lie or be placed, nearer than 


' feet above the Mouth of the ſame, on penalty of Fi ty 
 Shillings on the Work-men offending againſt the ſaid 
| A a, | 


' TIMBERS jn PARTY WALLS, 


No Timbers ſhall bs laid into any Party Arch ex- 
cept for Bond to the ſame. 


No Timber to pe laid into any Party Wall here- 
after to be built, but what ſhall have full 83 inches of 
ſolid Brick or Stone-work between the Ends and Sides 


of the ſame and the Timber of any adjoining Building. 


The End of any Timber may lie beyond the Center 


pf any Party-Wall hereafter to be built, provided there 


be 8; inches of Solid Brick or Stone-work at the End 
of the ſame. 


2 OPENINGS, 


y 


. 


| 


. 63 


Openings in Party Walls. 21 


OPENINGS, Ae. in PARTY WALLS. 


No Opinings to be in Party-Walls except for a 


Communication from one Warehoufe to another, and 


from one Stable-building to another, which Commu- 
nication ſhall be by Iron Doors, &c. and except Paſ- 
ſages or Ways on the Ground-Floor, which Paſſage or 
Way to the Firſt and Second Rates ſhall be arched - 
over with Brick or Stone, or Brick and Stone together, 
at leaſt 13 inches thick, and to the Third and Fourth 
Rates at leaft 8; inches thick, and if there be any 
Vacuity under ſuch Paſſage, every ſuch Ow ſhall 
be arched oyer in the | ſame manner, 


Receſſes may be left in Party Walls for Chimnies, : 
Flues, Timbers, Ends of Walls, or Piers, provided 


that no ſuch Receſs be nearer than 83 inches to any 


Chimney or Flue, or to any Timber of the adjoining 
Building, and provided that no ſuch Receſs be more 
than 15 inches wide, or more than 4 inches deep, or 
nearer than 10 Feet to any other Receſs, 


Party Walls not to be cut or mainied, other than 
for the Purpoſes and jn the manner herein after men- 
tioned ; 3 that is to ſay, when the Front or Back Wall 
of any Houſe or Building, being in a Line with the 


Front cr Back-Wall of the Houſe or Building adjoin- 


ing thereto, ſuch Party Wall may be cut 9 inches deep 
and to the Center of the Wall, for the Purpoſe of in- 


ſerting therein the End of ſuch new Front or Back 


Wall; and 14 inches deep and - inches wide in the 
Cellar Story, and 2 inches wide in the Ground Story. 
for inſerting therein a Breſſummer and Story Poſts, 
we for Stone Steps and Stone Landings, and for Bearers 

for 


22 Noc and Bręſſummers. 


for Wood Stairs, ſo as no Timber Bearer be laid into 
any Party Wall nearer than 85 inches to any Chimney 
or Flue, or to any Timber af; the adjoining Houſe or 
Building, or nearer than 4 inches to the internal Fi- 
niſhing of ſuch adjoining Houſe or Building; and for 
Stone "Corbels ſor the Support. of Chimney Jambs, 
Girders, Beams, Purlings, Binding and Trimming 
Joiſts, and other principal Timbers. 


BUILDING againſt a PARTY WALL, 


If any Building ſhould be built againft a Party Wall 
that is of a proper Thickneſs, that have Timbers lie 
through the ſame, ſuch Timbers ſhall be cut off full 
6 inches in the Wall, which Wall wall be filled up 
with ſolid Brick or Stone-work. 


External Walls ſhall not become Party Walls, ex- 
cept of a proper Thickneſs above the F ootings, agree- 
able to the Rate that the preſent Building is of, and 
agreeable to the Rate of the Building intended to de 
built againſt it. 


Party Walls not to be raiſed after the Buildings ad- 
joining are compleated, unleſs the ſame, when raiſed, 
de of the full Thickneſs ſuch Wall is of in the Story 
next under the Roof of the higheſt adjoining Building; 
nor unleſs the ſame can be done with ſafety to the 
ſaid Wall, and the Buildings adjoining thereto. 


ROOFS, Ke. 


| Roofs, Flats, Gutters, and all Erections on every 
Building of the five firſt Rates of Building, except 
the Doors, Door-frames, Windows and Window- 
frames, 


Roofs and Breſſummers, Sc. 23 


frames, ſhall be entirely covered with either Glaſs, 


Copper, Lead, I in, Slate, Tile, or artificial Stone. 


Dormers, or other Erections, if Gxed in the Flat as” 
Roof of any Building, within 4 feet of any Party-wall, 
then every fuch Party-W all muſt be carried up 2 feet 
wider, and to the full Height of way part of ſuch | 
Erection. | 


WATER from ROOFS. 


Water fram the Roofs of the four firſt Rates muſt 
not drip next to any public Way, but muſt be convey- 
ed by Lead, Capper, Tin, or Iron Gutters, or Pipes, 
to the Tops of the Windows of the Parlour Story and 
below them Wood Trunks may be uſed. 


BRESSUMMERS, Kc. 


Breſſummers, Story Poſts and Plates, below and on 


the Ground Story only, may be uſed at Diſcretion, ex- 
cept that they muſt not be fixed more than 4 n 


below the Ground Floor, and 2 inches above, into any 


Party Wall, or than 14 inches deep; or nearer than 9 


inches to each other, if 4th Rates. 


Story Poſts at the Corner of any public Way, muſt 
be of Oak or Stone, at leaft 12 inches ſquare. 


No external Decoration to be of Wood, except 

Dreſſings to Shop-windows, which Dreſſings ſhall not 
be higher than the under Side of the Sills of the One 

Pair of Stair windows. | 


Stall-boards, 


2 . _ Petialtics; 


Stall-boards, in places 30 feet wide, muſt not projec 
more than 10 inches, Coverings 18 inches; and in 
any Place, not 30 feet wide, Stall- boards not more than 
5 inches, Coverings, 13 inches, from the upright Line 
of the Building. | 


| There muſt not be any Wood Frontiſpiece to a 
Building of the iſt Rate. 


Neceſſary Tiers and Stories of Door-caſes and Doors 
to Ware-houles, may be fixed at Diſcretion. | 


' WINDOWS and DOOR-FRAMES. 


Window-frames ws Dore Ga 26 the five fick 
Rates to be ſet in Reveals, and receſſed at leaſt 4 inches 
from the front of the OR in which they ſhall be 
fixed. 


No Timber-work whatever (except as before except - 
ed) ſhall be laid in any external Wall, nearer than 4 
inches to the external face thereof. 
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PENALTIES. 


No Building, or any Addition or Alteration to any 
Building, or cutting into any Party Wall, either Old 
or New, ſhall be begun without giving 24 Hours no- 
tice to the Surveyor in whoſe Diſtrict the ſame is ſit- 
uated, under the Penealty of Three Times the Sum the 

| Surveyor would be otherwiſe entitled to receive, for his 
Trouble in viewing the ſame ; and Twenty Pounds Pe- 
nalty to any Perſon who ſhall ſue for the ſame, I, 
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| Penal ty 


Drs 


av mm. 


built over a public Way, and ſeveral of the Ruoms or 


Internal Incloſures, &c. 28 


* 


Penalty of Ten Pounds on Perſons neglecting to 
uſe their Building, Addition, or Alteration, or eut- 
ting into a Party Wall, to be certified by the Survey- 

or, and filed with the Clerk of the Peace for the 


County, &c, in which ſuch Building is ſituate ; and 


a further Penalty 6f Ten Pounds got Adonth until ſuch 


Building, &&, is certified. 


Penalty of Hy Mills « on. Workmen offending 
eint the ſaid Act. 


Every Building, Addition, Alteration, or Cutting 
inte any Party Wall, contrary to the Rules and Regu- 
lations contained in hi ſaid AR, ſhall be deemed a 
Nuiſance, and muſt be altered, or the Perſon or Per- 


ſons ſo offending ſhall be committed to the common 


Goal, there to remain without Bail or Mine till 
the Nuiſance is removed. : 


INTERNAL INCLOSURES. 


Internal Incloſutes mal de meds of Brick or Stone, 


or artificial Stone, or Stucco, together, or ſome, or 
one of them, except as before excepted, for ſeparating 


any Building of the iſt, 2d, 3d, or 4th Rate or Claſs 


bf Building, from any. other Building, where ſuch 


MP ſhall. be in ſeparate Occupations, 


REGULATIONS of PARTY WALLS 


between INTERMIXED PROPERTY. 
In ern! Houſes, or. other Buildings, ſome Patt is 
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ry. ob _ Reguiatrons of Party Walls. 


F Jeni. are the Property of different Perſons, and lie in- 
termixed, without being ſeparated by a Party Wall, and 


without being arched over and under each other with 
Brick or Stone, or Brick and Stone together through- 


out, it is enacted, that when any Houſe or Building 
(except Inns of Court, &c.) ſo built, ſhall be rebuilt, 
there ſhall be a Party Wall agreeable to the higheſt 
Rate of Building er ee. thereto; with a Party Arch, 


or Party Arches, of 13 Brick, or 13 inches, to the iſt 


and 2d Rates, and 7 Brick, or 8 ; inches, to the 3d and 


4th Rates, between Houſe and Houſe, or other Build- 
ing, or between the different Raoms or Floors, ſo be- 
ing the Property of different Perſons as aforeſaid, 


B UIELDING 8 divided into > ſeparate 
DWELLING-HOUSES, &c. 


It is alſo further enacted, that when any Building 
of the Four Firſt- Rates (except Inns. of Court or 
Chancery, Royal Exchange, Companies Halls, and 


except: Ware-houſes and Dwelling-houſes, let at a 


Rack-rent for not more than Twenty Five Pounds by the 


| Year) be at any Time hereafter converted into two. 


or more Dwelling-houſes, Work-ſhops, Stables, or 


other Buildings, which ſhall be in diſtinct Tenures on 
the Ground-Floor thereof, then each ſuch Tenements 
| ſhall be conſidered as a ſeparate Building, and ſhall 


be divided from each other. by a Party Wall, or Party 


Walls, agreeable to. the - higheſt. Rate. of the. Buildiog 


adjoining thereto, Provided, nevertheleſs, the Propri. 


ctor or Leaſe-holder- of a Warehouſe not excceding 35 


Squares on the Ground Plan, may divide it for the 
Conveniency of letting it to Under Tenants; and alſo 


the eee or Leaſe-holder of any Stable. Vard, or 


Livery 


* 0 


3 


Buildingsdividedinto Dwelling-kouſes Sc. 27 


Livery Stables, may divide the ſaid Stables, fon the 
Conveniency, of letting the ſame to Under Tenants, 
provided the ſaid Stables do not contain more than 25 
Squares on the Ground Plan, n internal and 
external Walls. | 
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